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Hansen of the firm of Lederle and Provost, New York City, in the sewage dis-
posal plant for the Hebrew Sheltering Guardian Society at Pleasantville, N. Y.,
deserves notice.
There are no moving parts in this dosing da vice, a description of which, with
drawing is given in the Engineering Record.
238.  Disinfection at New Bedford.
PHELPS, E. B. Report on Disinfection of the Sewage of the City of New Bed-
ford, Mass., August, 1911.
The addition of small quantities of lime together with the bleach has been
shown to increase its efficiency and correspondingly reduce the cost. Actual
experiment is still necessary to determine the exact quantities of both the
bleach and the lime required in any given case, since different sewages react,
differently under similar treatments. The treated sewage must then be held
for a period of about fifteen minutes for the completion of the disinfection
This storage should be obtained in a tank which will prevent sedimentation
as far as possible.
The proper admixture of disinfectant is obtained by distributing it as well
a.s possible in a horizontal cross section and then by passing the flowing sew-
age over the under horizontal baffles, securing proper mixture in a vertical
plane1. Slonige without sedimentation can be obtained in a specially designed
tank, sketches of which have been submitted to you. This is a continuous
(low tank in which sedimentation is prevented by the upward flow of the liquid.
239.  Disinfecting Sewage at Redbank, N. J.
PHELPS, E. B. Water Supply Paper 229, U. S. Geological Survey. Wash-
ington, 1909.
The automatic dosing of the sewage (regulating the amount of chloride of
lime solution, that mixes with the sewage as it is flowing through the inlet
main into the sterilization tank) is effected by having the small feeding tank,
containing the bleach solution, suspended on one end of a long lever, the other
end of which is connected with a large float in the sterilization tank. As this
flow rises with increased flow, the small tank naturally goes down, and con-
sequently, an increased amount of solution can flow into it from a constant
level store tank, with which it is connected. By this increased head over the
orifice of the small feeding tank more chloride of lime solution will be dis-
charged into the crude sewage.
210. Sewage Disinfection in Atlantic City, N. J.
Sewage Disinfection in Atlantic City, Bridgeton, and Rahway, N. J.   Thirty-
fifth Annual Report of the Board of Health of the State of New Jersey,
1911.
The hypochlorite disinfection plant for the treatment of  the sewage of
the Chelsea district, of Atlantic City, is situated at the end of Raleigh Avenue
near the Thoroughfare, and was put in operation about August 10, 1911.